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OIL  FUEL   AT  SEA.

accommodate it in  the  burner body.      A  loose  burner
might be thrust out of its socket.

Fig. 26 shews the latest type of Wallsend-Howden
pressure jet burner. This method of mounting the burner
is a distinct improvement, since it enables the burner to
be withdrawn in the minimum of time, and without dis-
connecting the oil supply pipe.
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The burner is carried in a tubular holder, which bolts
on to the furnace front.
By slackening back the retaining screw, one is able
to lift the burner off the oil inlet pipe union, and then pull
it bodily out of the furnace.
The valve carried beneath the burner must not be
used for regulating the oil pressure at the burner.    This